
All fire dampers shall be rated to rsaintain the rating of tfcfe 
separation* They shall be approved and labelled fey 
Laboratories, (U.L.) and Board of Standards 
The installation shall be in accordance with manuf actus**? 1 ; s 
approved instructions. Dampers shall be as manufactured by Ait 
Balance Inc., Air Damper Mfg. Corp*, Airstream Products, Inc. WW 
an approved equal. 

All duct-collar connections shall comply *?ith ASHRAB & 
Gauges for collars for rectangular duct shall be as 

When auct-collars are connected with a rigid connection 
to angle reinforced standing seas, angle reinforced pocket 
or companion angle* a minimum 16 gauge up to 36" wide s 
and 14 gauge for larger sizes shall be installed. 
When other duct-collar connections are utilized the collar 
gauge shall comply with ASHME & SMAOtA. 
Gauges for collars in round duct shall be a minimum of 18 gauge. 

After the installation of dampers the contractor shall seal 

tape SXX J OlUX? tor air ClgliLliewt* acaxoiaa osxcsul* v** 

Company No. 800; Miracle Adhesive Corporation or an 
approved equal and Grey Vinyl Duct Tape as manufactured by 
Nashua Corporation or an approved /equal. 



11 for each foot of damper he: 
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The side clearance 
shall be 1/8" for each foot of damper width divided equally to the 
right and left of the collar. The maximum clearance for the 
and the total of both sides shall be l/2 f * each. The retaf 
angles shall be 1 1/2" x 1 1/2" x 1/8", so that there will h® a 
minimum of 1" of overlap on the fire se©atatio». 
Damper shall be secured to collar with either 1/2" tackwelds* Ho> 
10 sheet metal screws* 1/4" Dia. nuts and bolts, or 3/16" s£#el pi 
rivets., all 6" on center. 

Retaining angles shall be secured to collar, sleeve or plate mth, 
eithefr 1/2" tack welds, No. 10 sheetmetal screws, 1/4" Dia* nuts 

bolts * or 3/16" steel pop rivets, all 6" on center. 
Where the hsjng ceiling does not have removeable tiles an access 
door (firs-rated where required) shall be! installed is ceiling 
rear location of fire damper. 

Alt RBWNiN^ ANGUS SU4U Bf $AtmWZ£& 5 l££L ■ 


it 

"^3 



DATE ..^jG^JTlfc I 


THIS DRAWING SUBJECT TO CUNDFOONS IN 
DESIGNS AND METHODS HEREIN ARE RESERVED TO PORT 
NOT BE USED WITHOUT ITS WRITTEN CONSENT. 
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